Kaiser maintains that 75.509, a statutory standard, 2/ is solely
designed to prevent electrical hazards to miners working on electrically
nowered equipment, but was not intended to regulate mechanical maintenance
such as bit changing.  It notes that 30 CFR 75.510 and 75.511 are also
taken verbatim from section 305(f) of the 1969 Act,I/ and that this series
of statutorily derived regulations are directed toward the performance of
electrical work, not the mechanical procedure of bit changing.  We agree
with the analysis of the judge below, however, and find that these regula-
tions are not so restricted.

2/Section 305(f) provides: All power circuits and electric equipment shall
"be deenargized before work is done on such circuits and equipment, except
when necessary for trouble shooting or testing.  In addition, energized
trolley wires may be repaired only by a person trained to perform electrical
work and to maintain electrical equipment and the operator of such
mine shall require that such person wear approved and tested insulated
shoes and wireman's gloves. No electrical work shall be performed on
low-, medium-, or high-voltage distribution circuits or equipment,
except by a qualified person. Disconnecting devices shall be locked out
and suitably tagged by the persons who performed such work, except that,
in cases where locking out is not possible, such devices shall be opened
and suitably tagged by such persons. Locks or tags shall be removed only
by the persons who installed them or, if such persons are unavailable,
by persons authorized by the operator or his agent.

3/30 CFR 75.510 and 30 CFR 75.511 provide:

30 CFR 75.510 - Energized trolley wires may be repaired only by a
person trained to perform electrical work and to maintain electrical
equipment and the operator of a mine shall require that such person wear
approved and tested insulated shoes and wireman's gloves.

30 CFR 75.511 - No electrical work shall be performed on low-, medium-,
or high-voltage distribution circuits or equipment, except by a qualified
person or by a person trained to perform electrical work and to maintain
electrical equipment under the direct supervision of a qualified person.
Disconnecting devices shall be locked out and suitably tagged by the
persons who perform such work, except that, in cases where locking out
is not possibles such devices shall be opened and suitably tagged by such
persons.  Locks or tags shall be removed only by the persons who installed
them, or, if such persons are unavailable, by persons authorized by the
operator or his agent.
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